The front door to the main cabin is intact and in good condition.      The

frames and glass on both side lites^ are in good shape.  Upheaval of   the

floor in the center of the wall has caused a slight separation of   the

trim pieces around the windows. The door's hinges are broken and    the
door leans against the opening.

3)   Walls, Windows, and Door  (Porch Enclosure)

The walls to the porch consist of Hudson Bay

cornered infills above a 2 to 6 foot saddle-notched knee wall. Logs on
the east and west walls are separated by 1/2 inch tol inch from the
ends of the main cahin logs. Both front corners of the porch are
dropped approximately 4 inches from the center: of the wall (probably
because of the deterioration of the sill logs). Except for the bottom
three log courses and the plate logs, all of the logs themselves are in
good condition. Gaps have opened up below the eave log on the south
wall with much of the chinking deteriorating and eroded.

Front door is in excellent condition with the exception of the canvas
covering on the outside which is torn and deteriorating. The tr im
around the windows and door frame is interconnected with a single head
trim piece. The settling of the corners of the porch has caused the
tr im around the windows to become separated and the pegs holding the
trim in place to loosen. The settling has also racked both window
frames and broken the glass in the frames. The window frames are
heavily weathered .

Fabric on the inside walls of the porch is a white canvas or duck
cloth. All of the fabric is water stained and mildewed and in advanced
stages of decay. In many places the canvas is serving to hold in
moisture and debris, thus accelerating the rate of decay of the wall
logsr especially at the bottom, as well as the canvas itself. All of
the shelving systems in the porch are thrown together and built out of
old crates and scraps of wood. Many are broken and falling apart.

4)   Floors and Foundations

The floor in the main cabin consists of 1 1/4

inch x 8 inch average, random width, rough sawn planks on log str ingers
on grade at 2 feet to 6 feet on center. There is considerable heaving
in the center of the floor where it appears to be 2 to 3 inches
higher than at the east and west walls. In many places the boards are
raised completely clear of the str ingers. Substantial gaps have opened
up between the boards in many places.

The porch floor is the same construction as the main cabin floor. It
is in poor to bad condition with a patch having already been attempted
on the east side of the floor. The boards are very soft along the west
wall. Presently old catalogs and newspapers are piled along the east
end, rotting and deteriorating the boards as the acid leachs out.

The condition of the log foundation throughout is poor to bad. The
sill and spandrel logs rest on grade with no foundation or piers
beneath the logs. Gravel and soil are burmed up 8 to 12 inches on the
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